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AND NCC VWRING(BEYONO) IN CHANNEL 
SEE DWG. A-9, SECTION S3. 
_ FOR EACH LOCATION SHOWN ON 

mmtpft m owe. e-6.) 




telephone 
junction box 

(BEYOND) 

8"x8"x4 

EMER. POWER 
JUNCTION BOX 
(BEYOND) 


90 # ELBOW FITTING 


1 i/4 M c.y «rc 


SEE PLAN P-2, DWG. E-6 FOR CONTINUATION 



SECTION - FIRE COMMAND CENTER 
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SCALE IN FEET 
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CWS€H£ 
(SEE DWG E-6.) 


PENETRATE MXLV CABINET 1 AND MAKE 
CONNECTIONS TO TERMINAL BOARD. SEE 
GENERAL NOTE 8 ON DWG. E-1. 

'LB' CONDUIT BODY 

90* ELBOW FITTING 
(CROUSE HINDS tL39 M OR 
APPROVED EQUAL. )(TYP. FOR 2) 

EXISTING TRAVERTINE LAYER 
EXISTING SLAB LAYER 


5-1/C#8,1~t/C#IOG., 
3~1/C#10 10 IN 1 1/4*C. 

FOR FCO CONNECTIONS 

SEE DETAIL 'A* ON DWG. E 


3-20A/!P'CB IN 

NEMA 1 ENCLOSURE WITH IG BUS, 
CKT-1: LASER PRINTER 
CKT-2: FAX. BATTERY CHARGER, 

8ALLAST BOX. 
CKT-3: G.P. RECEPTACLES 

1-1/C#8 IG CONDUCTOR IN 3/4"C. 

ROUTED TO COLUMN F40/8 
(SEE PLAN P3 THIS DWG.) BOND 

TO BUILDING STEEL AT COLUMN. 


5-1/C#8,1-1/C#10G. 
IN 1 t/4 H C. 



S'xS'xr 

5-1/C#8;4- 
5-1/C#10 10 IN 1 

6"x6"x20" TROUGH 




PLAZA LEVEL 


FCO FEEDS TO FCC 
CONSOUE UPS UNIT 
2-1/C#10, 1-1/C#10G, 
1-1/C#10 IG IN 3/4 B C. 

EMERGENCY POWER 
PANELBOARD 'ERP-EA' 
(225A,12O/2O8V,30 ( 4W) 


ELECTRICAL CLOSET 


'B1 f SUBGRADE 

TAP LINE SIDE OF PANEL BUS 

SUBGRADE 'B1' LEVEL 


0A.B.&C 


ELEV. 


R 2 \ POWER RISER DIAGRAM 


N.T.S. 



FIRE COMMAND CENTER EQUIPMENT LEGEND - BUILDING FOUR (for console plan see dwg e-6.) 


QUANTITY 


1 


1 


INPUT 
(VOLTAGE 


KEYBOARD (ON SLIDE BELOW) 


DOT MATRIX PRINTER (ON SUDE OUT SHELF BELOW) 


C0NS0LE)/C.P.U 


LASER PRINTER (ON SUDE OUT SHELF BELOW) 


1 


FAX (ON SLIDE OUT SHELF BaOW) 

8ATTERY CHARGER (ON SUDE OUT SHELF BB.0W) 


^^^ | ni<^WiMIMHvAIMHMM|ipMM^ 

MOUNTED PHONESET, ELEC <XJAD, (2) PHONE JACKS 


POTABLE PHONES (OVER CONSOE) 


CONSaE LTG. * VENTILATION 


120 


120 


120 


120 


120 


PHASE Hz. 


1 


1 


1 


t 


120 


TOTAL CONNECTED LOAD 


ttWm 


CONNECTIW 


120 


1 


f 


€0 


60 


60 


60 


60 


60 


60 


UNIT 
LOAD 
(VA) 


100 


550 


900 


100 


200 


360 


TOTAL 

LOAD 

(VA) 


1100 


900 


REMARKS 


0. 


P;D; POWERED FROM NCC UPS UNIT; ONE PER NCC. 


P 


; UPS MAX. LOAD; MONITOR, CPU POWERED FROM UPS; SEE© 


P;D. 


100 


200 


720 


200 


3,220 


P;T. 


P. 


P(ELECT. QUAD.-G.P.);T. 


T. 


12V Qtt VIA CC^SOLE BALLAST BOX; 33A/ FAN x2. 
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VTC-» 9S/t4m 144? 
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This drowirig subject to corwJitipns in controct. 
Ait inventtons, tdeos, designs and methods 
herein ore ^- rested \ 'to VPort Authority dnd 
moy TO* be used without its written cormrAr 
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